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NOTES; 

1. VERTICAL CONDUIT RUMS SHALL BE SUPPORTED AT {VERY FLOOR ANO 
NOT EXCtEDCtC ?5 FEtT. SEE STRUCTURAL DRAWING S5-05 FOR 
CONDUIT SUPPORT DETA1S. 

2. INSTALL TAP ADAPTER PLUGS TO 15W-WVE SPUCE ASSEMBLY ANO 
CONNECT 3-t/C #4/0 15*0/ FOR SUSSTATKW SS-41-A SUBSTATION 
FEEDER. TAP CROW© CONDUCTORS WITH l#l CONDUCTOR 

3. FOR TYPICAL INSTALLATION DETAIL OF 15KV ARMORED CABLE SUPPORT 
SPLICE AM) PULL CABHET AT 76TH AMD 10STH FLOOR SEE DWG. E4-02. 

4. 15KV 3/C Vffitt ARMORED AND 1/C NON-ASUOREO PARAUJELED-lAY 
ASSCMSLEO CABLE ARE A'tHORdY FURNISHED EQUIPMENT TO BE 
IKSTAUEO « RACEWAY K> PART OF TMS WORK. 
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-10* MCH CURB WITH 
REMOVABLE SLAB 
SECTIONS 


OFFSET 15KV FEEDER 
CONDUCT TO FRONT OF 
SHAFT STARTWC AT 76TH 
FLOOR TO AVOID PIPES. - 


PART PLAN (MFJfl 41ST FLOOR 
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PART PLAN 1Q8TH FLOOR 
15KV FEEDER RISER CABI F 

SUPPORT AND SPUCE CABINET 



FRONT ELEVATION AT TOP OF CW 
PIPE SHAH ON 1Q8TH F10QR MER FOR 

LOCATION OF CABLE SUPPORT & PULL CABINET 



WITH 3— 1/C J 1 CND, A WORED 
~ UP TO THE 108TH I JXR. 


PART PLAN UPPER LEVEL 7TH FLOOR 
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I/C #4/0. I5W & 1-1/C J1CNO.. 5*C 
ENCASED IN rOF CONCRETE RUM ABOVE KUNC CDLNC 
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CONDUIT SUPPORT 
LOCATION 
SEE NOTE- 1. 


PART PLAN 76TH FLOOR 


-FOR CONTINUATION 
SEE DRAWING E-4.0. 


15 KV FE£3£R SPUCE ANO SUPPORT BOX 
SPUCE 3-1/C )*/0. 15KV CABLES TO 
4/C- 314/0. 15KV WITH 1-1/CJM CNO. AftHOREI 
CABLE. SEE [OWC. p-OI 


?W A&RfflEO CABLE 3/C l*/0 & 3 fl 
==l3totW^ffiE$ IN THE INTERSTICES 

... UR, TO..IKE 7TH EtOOR. _ 


SKVT 


TEftyJNAL, STCP CASKET FOR AUftjMATC 
TRANSFER SWITCH REMOTE CONTROL *«9W 
(PYPICAI, AU CATWALKS ANO AdSCENT TO 
ALL CABLE SPUCE BOXES SHOWN OH IMS 
DRAWNC) r 


PART PLAN B2 LEVEL 
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